GAS SAFETY CERTIFICATE 


This form can be used as a Landlord's gas safety certificate 
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Engineer Contract Number Gos Landlords Details If Different 


Gas Safe Car — | | Customer Name Ergjye Name 
Engie Office Address Site Address  Cyescorvs gq Address ATO 
4 G06 \\ (it AY Svottiad : -5 
S java "a accciaas V2’ Enter Company 
Postcode S10 BED .« Postcode Registration 
Received By Signature Rented Accommodation (sno Number 
Landlords Service if Appliance Details 
Hi Inspecti amor 
peste gaeres Location Type cf Model Serial Number Burner Manufacturer Fy ee 
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LAS of buloine : CUI, Aacireuus, Gal200 120700 S648 Andweus> 2s 
hoo. | 1300 S845 Angee > as 
General Safety Checks Result yams Safety Checks Result Ventilation i 
nee see oneneee ‘operating correctly KA Fiue termination satisfactory (Yes/No/NA) o> = level free area cm of ventilation flow rate inlet m’/h Actual 1450 cm? Required (Calculated) LSet 
—, 
[is there a current gas installation line diagram at Tas @ lightness test been carried out from local ‘ rane ie 4 
primary meter (Yes/No/NA) Yos ‘eolation valve (Yes/No/NA) Ye High level free area cm? or ventilation flow rate extract m'vh Actual \430 Ws Required (Calculated) 1G 2 faa | 
1s the meter installation correct (Yes/No) is gas pipework electrically bonded (Yes/No) ‘All ventilation grills clear and unobstructed (Yes/No) Fans and/or flue interlocks operating correctly (Yes/No/NA) 
“@> | ‘te>_| Ye> _| 
Gas Installation pipework adequately supported Tue adequate emergency isolation vaives fitted 7 , 5 
(Yes/No) Yos _| vesno Yes Details of any faults Remedial Action Taken | Comments and calculations 
Gas Installation pipework Sleeved and sealed as| ‘Are emergency valve handles in place and 
appropriate (Yes/No) o> labelled (Yes/No) Ye> i 
G 25 pease ‘colour coded or identified {xo> Do valves fall to the correct position (Yes/No) | Ye> 
eee bir ~ In accordance with py _| Area clear of combustible materais (Yes/No) [Ye 


5 Appia] App2or | App3or | App dor App ior] App2or | App3or | App 4or 

Appliance Checks ‘App 1 High| App 1 Low | App 2 High] App 2 Low App 1 High| App 1 Low | App 2 High] App 2 Low 

Flue flow teat satisfactory (Yes/No/NA) ns Yos Yes ai pressure (mbar) or heat input KW/n | | re i WA, | Carbon Dioxide (603) (%) 
Spillage test satisfactory (Yes/No/NA) “Oo “os Yes cant i pressure Griber orheat Put | ay ied ed Excess Air (%) 


‘Air/Gas switch operating correctly (Yes/NO/NA) | AA, ne ww | Gas rating measured (KW/h / NA) Pv | wy vy CO/CO; Ratio 
1 
Flame proving devices operaling conectly 1 
(Yes/No/NA) Yo s Yo> “o> “> Air/gas ratio control setting (%/NA) nes A Gross Efficiency (%) 
Burner lock out time (seconds) io | cO es} tcl flue gas temperature (gross less ambient) | 19 26 JF _ | COrive tition tape) 
Temperature and limit thermostats operating 
correctly (Yes/No) Ye | Yoo | ‘tor Oxygen (0; %) 5.0 65 |S.) |Saeer (mbar) 
| Heet net input rating data (kW) Carbon Monoxide (COXppm) 64 50 5 Ss Working prassure (mbar) 
al 
liance safe for use (Yes/' 
Worksheet No (if used) Declaration of gas safety - | confirm that all of the above work described on this form has been satisfactority tsappianes: (Yes/No) 
completed in accordance with the current Gas Safety (installation ‘and use) regulations, standards and procedures. Has a warning advice notice been raised 
= 26 Sho (No or Warning notice Ser No or No's) Zz a) 
Checked by (office use) ] \ 
Test Instrument 
Array Veo _| 
Entered on database Test Instrument serial numiber Wea SAESEAO 
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